CATWALK TO BE SUPPORTED 
WITH CHANNELS. S££ 
STRUCTURAL ORMWK FOR 
DETAIL 



STAN08Y GENERATOR 
PLANT FUEL OL PIPES 
MIHR RAJED 
KASONRY ENCLOSURE 


CABLE support 
CA9MET WITH FRONT 
ACCESS PASO. 
SCE DETAIL 'A' THIS D*C 



RUN AT COUNC OF 
STH aOOR ICR TO , 
LOCATION OF SMFCHCCAR 
IN ROOF GENERATOR 
PENTHOUSE. 


AC SHAFT 
OPEN TO 3RD FLOOR 


i X I 

f* N 
f \ 


SERVICE LOSSY 


-SPARE CONO. FOR 
FUTURE ONLY 


-OPEN SHAFT PART 
OF UECH, SHAFT 


PART PLAN 
TYPICAL FOR 4TH THRU 8TH FLOOR 


coNourrs to se encased 

« r CONCRETE ENVELOPE 

ouTsce of txavaa areas 



KB 


5* CONDUfT 


ThREAOED COUPUNC 

wrm conduct stud 


II CA, STEEL PLATE TOP OF 
SPLICE AW PULL CHAMBER 


POLYVINYL CHLORIDE 
4 <ET 




OnOUL SICKED * SCALED BY 
N.Y. PX. (Oft FLA.) 


Jose^h; !^. Loring 

& v . Associates' Inc. ■ 

consulting engineer* 

Or* PcnwyfaflU Plun 
Ntw Ye*, Nrw YoA fflt>-©5« 

r* ot» so-;** fee ens so-nu 


UPPER END OF THREAOED 
CONDUCT RISER CABLE 
SUPPORT FITTWO. 


3RD FLOOR PART PLAN 


THREADED COUPUNC 
WELDED TO STEEL PLATE 


r coNOurr 


HEME fC£ftWVTHATTHSBATfte#©CORflECI 
... . F ONE WTO CONTRACT DRAW^OW- _ 4 

srmn w apart of coNTiuctNaj^7t™Tw5^2? 

TH£]FORM M WHICH SAD DRAVmGS EWSthTatT * 
THE SAID CONTRACT WAS EXECUTED BY, 

■ ■ v :""V>£ 


H 

THE 


T »E 


THEPJ TIES. 


9TH FLOOR PART PLAN 


TYPICAL INSTALLTION DETAIL OF 

15 KV ARMORED CABLE SUPPORTS 
IN SPUCE AND PULL CABINET 


DATE. 


4-r CONDUITS FOR 1510/ FEEDERS TO STANDBY 
POWER GENERATOR DtSTHBUTION SWTTCHCEAR AT 
ROOF (ONE [1] CONO. IS A SPARC FOR FUTURE)- 
RUN CONDUITS AT STH FLOOR CEUNO FOR 
CONTINUATION SEE ORAWWC E4-0t. 


TO 480V POWER PANEL "PPff" 
IN GENERATOR BULKHEAD FOR 
F.O. SYSTEM AT 8-2 LEVEL. 


CONTROL WWNC FROM 
FA PUMP CONTROLLER 
AT 0-2 LEVEL TANK ROOU 
TO GENERATOR SWTTCHCEAR 
MASTER CONTROL SECTION 


CONTROL WMMC FROM 
AUTOUADC TRANSFER 
SWITCHES H I WTC * 2 WTC 
TO CENERATOR SWTCHCEAR 
MASTER CONTROL SECTION 


'it 


i 

it 




CASL£ SUPPORT 
CABINET ^ 


:hbkib»u :e<MMf 


STH FLOOR UER 



I 


STRUCTURE CHANNEL 
SUPPORT. SEC 
STRUCTURAL D*CS. 

rrrpscAO 


4-s* conoutts for iskv feedcrs 

DOWN TO 02 LEVEL EL 28*' H A/C 
SHAFT. HSMOE CONOUTTS SUPPORTS 
AT EACH FLOOR. FOR CABLE SUPPORTS 
SEE STRUCTURAL DRAWWG5. FOR 
CONTMUATKN SEE DWC C-4.04. 


FRONT REMOVABLE STEEL 
PLATE FOR ACCESS TO 
SPUCE CHAMBER 
(TYPICAL FOR 5) 



11 CA. STEEL PLATE 
BARRIER 


11 CA. BACK STEEL PLATE 
OF SPUCE AMD PULL 
CHAMBER 


CONDUCT FTTTWG FOR 
ARMORED CABLE SUPPORT 
INSTALLED ON TOP OF 
CONDUCT END* 


DETAIL "A* 
HORIZONTAL SECTION THRU 

CABUE PUll ft SPUCE CABINET 

AT CABLE SUPPORT FITTINGS 


SEC TION 'A-A' 


SE CTION 'B - B ' 

o- r 



MOKICf 

DMD 

auor 
iBBomz 

PC 


LE8UE E ROBERTSON 
AS30CWTES, RliP. 
cam*.-** mruawn. mnw 
nmrMtinv 

MM YCMCMV W»»M 
H.MWHM MtWWMI 
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ENMCCflOFt't 



II/I7/M 6SUE0 FOR BO 


RmU» 


TJErfsIona I 

J I 


The 


Trade" 


Centesr 


! ! 


TW« 

STANDBY POWER 
5 WORLD TRADE CENTER 

ELECTRICAL : -rf 

5 WTC PART PLANS : 
CONDUIT RISER SHAFTS; 

6 DETAILS SHEET 1 


Thrt tiro««g fobjMt to und^m to attract, 

Mro^i o;-> retevtd la Ptxt Ao'^iorily onfl 
n>oy i»( fc* uMd n^tout B"« >rfttoa cement 


uar. 


W/17/97 AS NOTED 

Centred H«rrt*» 0^*3 MMbtf 

WTO946.071 E-W* 


